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Section iv 


COVERNMENT OF KERALA 
Labour and Rehabilitation ( B ) Department 


NOTIFICATION 
G . O , (Rt.) No. 1337 / 2007/LBR . 

Daled , Thiruvananthapuram , 144 May 2007 
S . R . O . No . 583/ 2007 . - WEIERLAS, the General Manager 
(Operations) . Kochi Refinerics Limited , Ambalamuga ). Emalulu has 
requested excinption from the provisions of dic India Boiler Act. 1923 
for the operation of their Unfired Waste Hcat Boilers hearing Registration 
Nos , K . 1008 , K . 1009 und K . 1010 installed at Ms. Kochi Refineries 
Limited , Ambalamugul, Ernakulam to nable them to offer these boilers 
for inspection once in 2.1 months instead of once in 12 montlıs 18 provided 
in the Indian Boilers Act, 1923 ; 

AND WHEREAS, the Central Boilers Bond las decided that the 
Suite Government nuly grant such excirption by notification under the 
provisions of subsection ( 3 ) of section 34 of the Indian Boilers Act 1929 
so that the inspection of ulired w .uste licht boilch can be carried out 
concurrently with the periodical shut down of thic plauit , provided that the 
period from me inspection to the next does not exceel 24 months and 
provided that standard of supervision , maintenance and treatment ofwater 
Lise in the boilers are upto the Satisfaction of the State Goverruinent : 


AND WHEREAS , the Government are satisfied that traited water as 
per the design specification is being that and that the operation and 
maintenance of the boiler is being used by well qualificd and cxperienced 
persons ; 

Now . THEREFORE . in exercise of the powers conferred by sub 
Kection ( 3 ) of section 34 of the Indiu Boilers Act, 1925 ( Guntral Act 5 
of 1923 ). the Governncnt of Kerala hereby exclupt the unfired waste heat 
boilers Lucaring Repristration No . K , 1008 . K . 1009 and K . IOTO Installed 
in MA Kochi Rchineries Limited , Ambalamigal, Ernakulam from thc 
provisions of sub -section (3 ) of section of the vid Act subject to the 
following conditions, namely : 
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Only De-mineralized water confirming to Burety of Indian 
Standards specification shall be used in the above mentioned 
unfired waste licat boilers. 
The unfired waste heat boilers shall be operated and maintained 
218 per the design specifications , and operation and maintenance 
of the boiler are being carried out by well qualified and 
experienced persons. 
In house external inspection shall be carried out by the inspection 
department of M / s Kochii Refineriny Limited , Ambalamugal, 
Ernakulamt at least once in a year and the records shall be made 
available for inspection . 

T luc management shall alsuc proper up - keep and maintance 
of the boilers in the prescribed inner as per the manufacturer s 
recommendation . 
The boilers shall be inspected by an Inspector of Factories and 
Boilen Onge in a period of 24 months instead of 12 months on 
Payment of fee ordinarily payable for a boiler on that clnus . 
This cxcmption is liable to be withdrawn or modified without 
prior notice if considered necessary by the Government. 
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By order of the Governor 

C . K . VISWANATHAN , 
Secrolapy lo Gourant . 


Explanatory Note 


( This does not form part of the notification , but is intended to achieve 
its general purport .) 

M /s Kochi Refineries Limited , Ambalamugal , Ernakulam las installed 
three numbers of unfired waste licat boilers which recover waste heat from 
Sulphur Vapour. They lave requested Government for temption for 
operating the abovc boilers for a period of 24 months and to present it for 
inspection once in 24 months instead of 12 months . Government have 
decided to grant the cxemption . " 

This notification is intended to achieve the above object . 


